GAS SAFETY CERTIFICAT 


This form can be used as a Landlord's gas safety certificate 


Engineer Contract Number =OOS Landlords Details If Different 
Gas Safe Card Customer Name awe Name 
Site Address Address 12076 
Howden Fairs 
She fied Enter Company 
Postcode SIO 3ap Postcode « Registration 
Received By Signature Rented Accommodation (YES/NO Number 
Landlords Service Appliance Details 
App| appliance | Inspection 4 Fiue Type 
Yes/No Repair Location Type Model Serial Number Bumer Manufacturer (OF/RS/FL) 
ve a = : | 
1 | ‘os lnseecticn| Plow oom fe Stplem loci \eissman Go Ke TS)S010 | \eissmen olf 
, SUokifeiex\ fs 
2 | Rees: " heatol BAving, Scyslen_ ole | Veigsmaan Gonies 1318010 | Wwissman ol 
2 
3 ij Sysien Weiter | Weiss man Gokus 73)S010 (Weiss man ole 
sa = 
4 YJ Sysey rity | Vie men Go Kww |_]SyS010 | Veiss pan ole 
-— 
General Safety Checks Resuit |General Safety Checks Result Ventilation 
< ro imma ‘operating conectly NO Flue termination satistactory (Yes/No/NA) “ws Low level free area cm? or ventilation flow rate inlet m’/h Actual 2245S om* Required (Calculated) 2G SO am. 
ita era mga fine siagram ot Yos, tel le Ang erred pags pation ieee es High level free area cm? or ventilation flow rate extract m’/h Actual 1] 36 PES Required (Calculates) 1G4O at 5 
is the meter installation correct (Yes/No) i Is gas pipework electrically bonded (Yes/No) All ventilation grills clear and unobstructed (Yes/No) Fans and/or flue interlocks operating correctly (Yes/No/NA) 

“tes Gs | Yes “A 
creer permoreepeey ears! tas (lene isolation valves ted |G | Details of any faults Remedial Action Taken Comments and calculations | 
‘Gas Installation pipework sleeved and sealed as | Are emergency valve handles in place and 7 
appropriate (Yes/No) ‘es | labeled (Yes/No > Opa mew sar on four MISLLP Of jASYinLe. 
is gas pipework colour coded or identified . 

(Yes/No Yo> Do valves fall to the correct position (Yes/No) Yos AB VAIEMON Gk 6 pelos Ar keck | 
Is flue system installed in accordance with Tos ‘Area clear of combustible materials (Yes/No) Yos 2 R eer.) C =a “3 ~ 33 i 
standards (Yes/No) : co AD piece adusxeay Se Yo RY 
7 App ior | App2or | Appar | App4or ‘App tor | App2or | AppSor | App 4or App lor] App2or | Appaor | App4or 
Appliance Checks App 1 High| Ape 1 Low | App 2 High | App 2 Low App 1 High| App 1 Low | App 2 High| App 2 Low App 1 High| App 1 Low | App 2 High} App 2 Low 
Five flow test satisfactory (Yes/No/NA) Ys “Gs x = en prem inner) orheateguckinn | nA nm Carbon Dioxide (CO, (9%) 6.9 |8.6 ‘|s 6 |$% 
Spillage test satistactory (Yes/No/NA) Yos Yos Yes | Yes | Kachin pressure (mbar) or heat input kWh nn | A = Excess Air (96) a 3% a 25 
— 
Air/Gas switch operating corractly (Yes/No/NA) Yos Lo > Yos Me s Gas rating measured (kW/h / NA) Nw wa we CO/CO, Ratio ooo6 ccoé forte § fecel 6 
—_+—_— = -t- 
Flame proving devices operaling correctly t . 2 a 
(Yes/No/NA) Us > Yo s Gs UG s Air/gas ratio control setting (96/NA) __| AY na aA Gross Efficiency (%) i 4 4 as ay 
Burner lock out time {seconds} ie) iwo =| ito sy pes TR SRN ENILNS EASON EME EI ee $1 <2. CO flue dilution (ppm) a ios ath A 
—_——_——- + 
Temperature and limit thermostats operating aes, = a | - 
correctly (Yes/No) YW oo Yoo Mas | Ones. $.5 |5-5 |5-6 Standing pressure (mbar) fan Ae ||| eae OS: | 
Heat net input rating data (kW) SQuus | S$Kw | SBkuw | SBKuS | Carbon Monoxide (CO}ippm) sé Oo $7 Working pressure (mbar) 10 (ik LO LO 
ul lei LS 
Worksheet No (if used) Declaration of gas safety - | confirm that ail of the above work described on this form has been satisfactorily 7 [ts appliance safe for use (Yes/No) | ‘(o> ace) ‘ws | Gs 
©O1G completed in accordance with the current Gas Safety (installation and use) regulations, standards and procedures. Has a warning advice notice been raised 
(No or Waming notice Ser No or No's) toon 
S a by nen Ree eel 2% u a Test Instrument Poe \VAD0 
Entered on database Ye> Signeture [fs Instrument seriat number Apo DoE 286 719 
, eer = 


.,Distribution: White - Customer, Yellow - Service Centra, Pink - Site, Green - F= 
‘. a — - 


~/ Gas Safety Certificate ‘002 =| y Version No! 01 ) 
[ 2 Version Date: February 2015 


ification; Unclassified = 7 


